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empty properly when they have to be drained. To inspect I) in
order to understand exactly what is wanted at the other places,
both sides of the septic system will have to be drained.

"The cleaning out of the rock from the tank A will be very
slow and nasty work, and it should be begun at the earliest
possible moment so as to get it clone as soon as possible.

" When all of this work has been done the sewage may be again
turned into the system, the valves being arranged so that the
liquid flows through the tanks in the following order: E, F, A,
G\ II, and /. Great care must be taken to get the elevations of
the pipes as shown on the*, drawing, as the proper regulation of
the flow when the valves are arranged in various ways depends
upon this. The pipe after leaving the last tank, /, must rise as
shown, before it joins the line leading to the? dosing tank.

"The valve in the dosing tank by which it is drained must bo
opened as soon as any work is undertaken, and kept open until
all of the work on the filter beds is completed. There is no work
required in the dosing tank itself,

11 Filter Materials. These materials in all of the contact beds
will have to be entirely removed and screened. A portion of
the screenings can be re-used, but most of the sand and all of
the dirt will have to be wasted. Instructions for screening will
be furnished separately. Enough new material will be supplied
to make up the deficiency and to restore the bedn to proper
level The material is to 1x3 deposited with cares in layers, and
each layer compacted by ramming or otherwise before the
next layer is deposited upon it.

" Piping In the Filter Beds. The bottom set of pipes in the
concrete-lined filter beds is to be as follows: A header of 8-inch
pipe made up entirely of 8 to 4-inch single branches in to be laid

along the clown-hill bottom edge of the bed, with all of the

branches on a level with the bottom of the bed. At the center
of this header there must be an 8 to 10-inch Y connecting with
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